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in-

The surgeon states also that these examinations show a decrease in
the amount of oxygen absorbed, viz.:

January 11, 1905     .   .......    0.714 parts per 100,000

"   '   18, 1905........0.582    "      "   100,000

These tests were made under the conditions stated above.
Very respectfully,

(Signed)         D. E. MCCARTHY, Major and Quartermaster, U. S. A.,

Constructing Quartermaster.

FORT LEAVENWORTH, Kansas, February 2, 1905.

To the SURGEON, Fort Leavenworth, Kansas.

SIR: I have the honor to submit the following report of analysis of
sewage and effluent from the sewage purification plant at this Post:

ANALYSIS STATED IN PARTS PER 100,000.

MAIN PLANT, No. 1.
Raw Sewage:
Free and saline ammonia.............1.23

Albuminoid ammonia

.37

Oxygen absorbed in 4 hours at 80 degrees F......1.81

Effluent:

Free and saline ammonia............

Albuminoid ammonia      .............

Oxygen absorbed in 4 hours at 80 degrees F.....

Oxygen absorbed in 3 minutes before incubation    .  .
Oxygen absorbed in 3 minutes after incubation for 5
days at 80 degrees F.............

.32
.062
.523
.14

.135

AUXILIARY PLANT, No. 2.

Sewage:
Free and saline ammonia.............1.16
Albuminoid ammonia...............24
Oxygen absorbed in 4 hours at 80 degrees F. .....    1.54
Effluent:
Free and saline ammonia..............39
Albuminoid ammonia      ...............058
Oxygen absorbed in 4 hours at 80 degrees F.......48
"           "       " 3 minutes before incubation     ...    .12
"3       "       after         "      ......113